
B3 LEVEL PART PLAN 



B4 LEVEL PART PLAN 


1-1" CONDUCT FOR 15KV FEEDOt 

to tie exbtwc i wre feeder 

(BPA3A0CASTERS) AT PULL BOX 
LOCATED ABOVE DKTWC STEP-UP 
TRANSFORMER AT SO LEVEL 



■ PROVIDE SUPPORT OP CONDUIT 
WTM WALL TO WALL ANO CEKJNC 
STEEL CHANNELS /MJ BRACKETS, 



2-5* COMXffT FOR 13KV FEEDERS 
AT PLENUM CEUNC. TERWKaTE 

i-S" conduit at existing gnaw 
unk fence for future use. see 

DRAWJW.E8-OJ *f*° E6-04. 


Gakace Exhaust Plenum ruwti. 


92 IF.EL El !S«- 


PULL BOX 


ej level a. !7<- 


DETAIL "A" 
SECTION ALONG B2 LFVFI, 
AT EXHAUST PLENUM TUNNFI 


6- !■ 



KB 


onop i-r cwoOri ~ " 

TOEHTER T« O0ST1MC 
STEP UP SUBSTATION 
(CQUNG Of » i£«L) 

at SA*e location of 

DOSTtW BUS DUCT. 


i-5* coHogrr for iskv 

FEEDER TIE TO DOSTWO 

t wrc riser, spucc at 

POLL BOX A80VE ExJSTrtQ 
STEP-UP TRAKSFORUER. RUN 
AT B5 FLOOR LEVEL 


t, FOR lAASTER ONCUhE OiACRAU SEC OR**WC Ho Ei-Oi 

J, FOR CCNERAIOR 5TSTEU «SC* OtACRAM SEE OftAwtNC Mo. tl-02. 

3 FOR 2 WTC 1SKV FEEDER «StP WWt KC CfTAt,S SEE 0ftA*5NC Ho. £t-02. 

*. FOR 5 »TC IJKV FEEDER RSCR LATOvr AM) OCTA^S SEC DftAWWO Ko £(-02, 

5 THE HORIZONTAL. ROUTINE CF CAflU AM) CONDUIT SK>*N CSK J«S ORA*!*C 
IS SCHEMATIC. Thf EKAST LOCATION AMI ROUlWC S«A. 9C CCTERWfCO 
BY TK CONTRACtCR AT THE CONSTRUCTION SHE COwPtNSATlOH FOR 
INSTALLATION Of CONDUIT «ClW»« SUPPORTS, PULLWC OF CA9LE, PULL ' 
BOjES. CUTTWC. PaICMNC. REWOVAl A*0 REPlACCUENT OF EIUSTWC 
CONSTRUCTION IN THE Vwe wu. St PA© FOR AT TXT NET COST THEREOF. 

NET COST SMALL BC COMPUTED W THE Sa*i£ UANKiil AS IS COMPENSATION 
FOR EXTRA WORK. WOuOtse ANT PERCCKTACC *00mON TO COST. AS SET 

forth w the Clause of tx contract pnofo-x compensation FOR (xi ra 

*ORK COMPENSATION FOR SA3 NET COS' WWW D-AU NOT DC CHARCEO ACA*iST 
THE TOTAJ. AUOVNT Or COUPCNSATWN uflhiXZLO fOR EXTRA *CRX 

6 FOR CONDUCES) SUPPORT am) COnCRPE ENVELOPE OCTMS SEf STRUCTURE 

ORMKNOS 




OVERN&O CONDUIT SANK ENCASED 
W r CONCRETE OMIOPE 


conou* Sank m tr concrete 
ru. over ousting slab 


OVERNCW CONOUT (UMK 
NO CONCRETE ENVELOPE 


O.WEAO COWUfl FOR FUTURE 
SERVICE TO 1 WTC ENCASED IN 
2* CONCRETE ENVELOPE 


1-5" CONOurr TO S3 LEVEL 
CEtUW. SEX Bi ANO S3 LEVEL 
PART PLANS FOR CONTINUATION. 


B5 LEVEL PART PLAN 



l-r CONDUTT FOR 
FEEDER UP TO S3 LEVEL 
FOR CONTWUAJION SEE 
PART PLAN TWO Owe 

LOCATION OF EMSTWC " " 
EMERGENCY OtSTRSUTON 
ANO PARALLEUNC SWITCHCEAR 
AT B-S LEVEL 


Be LEVEL. PART PLAN 
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